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Note. —  The  Association  desires  to  call  attention  to  the  fact  that  this  Specification 
is  intended  to  include  the  technical  provisions  necessary  for  the  supply  of  the  articles 
herein  referred  to,  but  does  not  purport  to  comprise  all  the  necessary  provisions  of 
a  contract. 

BRITISH  5 

STANDARD     SPECIFICATION 

FOR 

FIVE-AMPERE,  FIFTEEN-AMPERE  AND  THIRTY-AMPERE 
TWO-PIN   WALL   PLUGS    AND    SOCKETS 

FOR 

DOMESTIC   PURPOSES.  ^° 

(WITHOUT  EARTHING  CONNECTION^. 

(revised    DECEMBER,   1919.) 

The  values  given  in  British  measure  throughout  this  Specification  are  the 
Standard  dimensions. 

All  Two-pin  Wall  Plugs  and  Sockets  for  use  with  currents  not  15 

exceeding  5,  15  and  30  amperes  respectively,  at  pressures  not  exceed- 
ing 250  volts,  and  purporting  to  be  British  Standard,  shall  conform 
in  every  respect  with  the  following  requirements. 


PLUG     PORTION. 

Material  of  Base.  20 

1.  The  base  shall  be  of  tough  incombustible  insulating  material 
which  will  not  soften  when  heated  to  a  temperature  of  ioo°C. 

Thickness  of  Base. 

2.  The  thickness  of  the  base  shall  be  not  less  than  the  values 
given  in  the  table  below  : —  25 


Size  of  Plug.  Thickness  of  Base. 


Amperes. 

5 
15 

30 


inch.  mm. 

%2  i                   4-0 

%  I                   6-4 

"■.  9-5 


Method  of  Entry  of  Flexible  WTire.  3q 

3.  The  flexible  wire  shall  enter  the  plug  through  one  or  more 
holes,  grooves  or  glands,  and  shall  be  gripped  to  prevent  a  stress  on 
the  connections  with  the  terminals.  In  all  cases  the  flexible  wire 
shall  enter  at  the  side. 
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Size  of  Wiring  Holes,  Glands  or  Grooves  for  Flexible  Wire. 

i.     The  diameters  of  the  holes  or  glands  shall  be  not  less  than 
the  values  given  in  the  following  table  : — 


Size  of  Plug:. 

No.  of  Holes  or  Glands. 

Diameter  of  each  Hole  or  Gland. 

Amperes. 

5 

15 

30 

5 
15 

30 

1 
1 

1 

2 
2 

2 

inch. 

%2 
11/32 
V2 

?iB 
%2 

mm. 

7-1 

8-7 

12-7 

4-8 
4-8 
7-1 

10 


When  one  or  more  grooves  are  provided  they  shall  be  of  the 
same  size  as  the  holes,  unless  they  are  designed  to  clamp  the  wires 
as  provided  for  in  Clause  3. 

Material  of  Pins.  15 

5.  The  pins  shall  be  of  phosphor  bronze  or  hard  drawn 
brass. 

Diameter  of  Pins. 

6.  The   diameter  of  the  pins  before  slotting  shall  conform  to 

20 


the  values  given  below  :- 


Size  of  Plug. 

Maximum  Diameter. 

Minimum  Diameter. 

Amperes. 

5 
15 
30 

inch. 

0-201 
0-279 
0-313 

mm. 

5-11 
7-09 
7-95 

inch. 

0-199 
0-277 
0-311 

mm. 

5-05 
7-04 
7-90 

25 


The  ends  shall   be   rounded  to  facilitate  entry  into  the  socket 
tubes. 

Length  of  Pins. 

7.  The  length   of  the  portion  of  the  pin  which  projects  from 
the   insulating  base  shall  be  |  inch  (i5'9  mm.)  for  the  5  ampere  30 
plug,  if  inch  (2o"6   mm.)  for   the    15   ampere  plug,  and   i|  inch 
(28*6  mm.)  for  the  30  ampere  plug. 

Size  of  Slot  in  Pins. 

8.  The  dimensions  of  the   slot   in  the  pins  shall  conform  to 


the  values  given  in  the  following  table  : — 


35 


Size  of  Plug. 

Minimum 

Length  of  Slot. 

Maximum  Width  of  Slot. 

Amperes. 

5 
15 

30 

1 

inch. 

% 

mm. 

11-1 
15-9 
22-2 

inch.                     mm. 

0-023                 0-58 
0-028                0-71 
0-028                0-71 

40 
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Spacing  of  Pins. 

9.  The  pins  shall  be  set  on  a  diameter,  the  distance  between 
the  centres  being  o'656  inch  (i6'66  mm.)  for  the  5  ampere  plug, 
0*875  i^ch  (22"23  mm.)  for  the  1 5  ampere  plug,  and  i'25  inch  (3i'75 
mm.)  for  the  30  ampere  plug.  The  spacing  shall  be  tested  by  means 
of  the  "  Go  "  gauge  shown  in  Figure  i,  page  11. 

Material  of  Terminals. 

10.  The  terminals  shall  be  of  brass  or  phosphor  bronze. 

Type  and  Size  of  Terminals. 

11.  The  terminals  for  the  5  ampere  plug  shall  be  of  the  Pillar 
type,  with  a  hole  at  the  side  for  the  flexible  wire.  Terminals  of  any 
other  type  may  be  used  for  the  15  ampere  and  30  ampere  plugs,  and 
if  adopted  they  shall  be  of  equally  substantial  construction,  and 
shall  provide  for  firmly  clamping  and  securing  the  flexible  wire. 
Pillar  type  terminals  shall  conform  to  the  following  dimensions  : — 


Size  of 
Plug. 

Dimensions  of  Pillar  Type  Terminals. 

;            If  Rectangular, 
t                   Minimum 

Length  of  Side. 

If  Round, 
Minimum 
Diameter. 

Diameter  of  Hole 
for  Flexible  Wire. 

Amperes. 

5 
15 
30 

1           inch. 

C-187  X  0-187 
0-280  X  0-280 
0-375  X  0-375 

mm. 

4-75  X  4-75 
7-11  X  7-11 
9-53  X  9-53 

inch. 

0-234 
0-311 
0-437 

mm. 

5-94 

7-90 

11-10 

inch. 

0-120 
0-156 
0-250 

mm. 

3-05 
3-96 
6-35 

10 


15 


20 


The   thickness   of  the  wall  where  the  clamping  screw  passes 
through  shall  be  not  less  than  0*065  ^^'^ch  (i'6^  mm.)  for  the  5  ampere 
plug,  o"i25  inch  (3"i8  mm.)  for  the  15  ampere  plug,  and  o'iSy  inch  25 
(4*75  mm.)  for  the  30  ampere  plug. 

Clamping  ScreY?s  for  Flexible  Wire. 

12.  The  brass  screws  for  clamping  the  flexible  wires  shall  be 
No.  6  B.A.  screw  thread  for  the  5  ampere  plug,  No.  4  B.A.  screw 
thread  for  the  15  ampere  plug,  and  No.  2  B.A.  screw  thread  for  the 

30  ampere  plug.      When  used  with  pillar  type  terminals,  the  screws  30 
shall  have  cheese  heads  in   accordance  with  B.  S.  Report  No.   57, 
and  shall  be  of  sufficient  length  under  the  heads  to  extend  to  the 
far  side  of  the  wire  holes  in  the  terminals. 

The  ends  of  the  screws  shall  be  slightly  rounded  to  prevent 
cutting  the  wires.  35 

Construction  of  Pins  and  Terminals. 

13.  If  a  stem  be  used  .for  connecting  the  slotted  pin  with  the 
terminal  it  shall  have  a  diameter  not  less  than  No.  5  B.A.  screw 
thread  for  the  5  ampere  plug,  and  not  less  than  No.  3  B.A.  screw 
thread  over  a  length  of  not  more  than  o'lS'j  inch  (4*75  mm.)  for  the  40 
15  ampere  plug.  The  hole  for  this  stem  shall  not  break  through 
into  the  wire  hole  of  the  terminal  at  the  point  opposite  the  clamping 
screw.  In  the  30  ampere  plug  each  pin  and  terminal  shall  be 
formed  in  one  piece. 
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Enclosure  of  Terminals. 

a.  The  terminals  on  the  base  shall  be  enclosed  in  a  cover  so 
formed  as  to  screen  all  metal  parts  of  opposite  polarity  from 
each  other. 

Material  of  Cover.  5 

15.  The  cover  shall  be  either  of  insulating  material  or  of  metal 
with  an  insulating  protection   for  the  live  parts. 

Connection  between  Cover  and  Base. 

16.  The  cover  shall  be  secured  to  the  base  in  a  satisfactory 
manner.     If  it  be  secured  by  screws  threaded  into  a  china  top  or  10 
cover,  these  screws  shall   be  not  smaller  than   No.  4  wood  screws 

—^  inch  (i4'3  mm.)  long  for  the  5  ampere  plug,  No.  6  wood  screws 
f  inch  (i9"i  mm.)  long  for  the  15  ampere  plug,  and  No.  8  wood 
screws  1  inch  (25*4  mm.)  long  for  the  30  ampe-re  plug. 


15 


Provision  of  Hand  Shield. 

17.  A  shield  shall  be  provided  in  such  a  position  that  pro- 
tection is  afforded  to  the  hand  from  the  effects  of  any  arcing  at  the 
contacts  and  at  the  point  of  entry  of  the  flexible  wire. 

Material  of  Hand  Shield. 

18.  The  hand  shield  shall  be  of  hard   wood  or  other  strong,   20 
tough  insulating  material. 

Size  of  Hand  Shield. 

19.  The  hand  shield  shall  have  a  diameter  of  not  less  than 
2   inches  (5o"8  mm.)  for  the  5  ampere  plug,  2^  inches  (63"5  mm.) 
for  the   15  ampere  plug,  and  3  inches  (76'2  mm.)  for  the  30  ampere   25 
plug. 

Provision  of  Handle. 

20.  A  handle  or  knob  shall  be  provided,  the  diameter  of  which 
shall  not  exceed  f  inch  (iQ'i  mm.)  for  the  5  ampere  plug,   i^  inches 
(31 '8  mm.)  for  the   15  ampere  plug,   and  ih  inches  (38T  mm.)  for   30 
the  30  ampere  plug. 


SOCKET   PORTION. 

Material  of  Base. 

21.  The  base  shall  be  of  vitreous  material  or  a  tough  incom- 
bustible insulating  material  which  will  not  soften  when  heated  to  a  35 
temperature  of  100°  C. ;  and  in  either  case,  after  twenty-four  hours' 
immersion  in  water,  the  material  shall  not  increase  in  weight  more 
than  one-half  per  cent,  after  all  moisture  has  been  removed  from 
the  surface. 
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Recess  in  Base. 

22.  When  the  base  is  intended  to  be  fixed  to  a  flat  surface 
a  recess  shall  be  provided  at  the  back  not  exceeding  y^  inch 
(i'6  mm.)  in  depth  to  ensure  proper  seating. 

Holes  for  Fixing  Screws  for  Surface  Type  Sockets. 

23.  At  least  two  holes  for  the  fixing  screws  for  surface  type 
sockets  shall  be  provided. 

Size  of  Fixing  Ring  for  Flush  Type  Sockets. 

25.  When  the  insulating  base  is  carried  by  a  metal  ring  or 
plate  forming  a  flush  type  of  socket  the  diameter  and  thickness  of 
the  ring  or  plate  shall  conform  to  the  values  given  below  : — 


Size  of  Plug:. 

Diameter 
of  Ring:  or  Plate. 

Minimum  Thickness 
of  Ring  or  Plate. 

Amperes. 

5 

15 

30 

inches. 
2-5 
2-75 
3-5 

mm, 
63-5 
69-8 
88-9 

inch. 
0-062 
0-062 
0-080 

mm. 
1-57 
1-57 
2  03 

Material  of  Fixing  Ring  for  Flush  Type  Sockeks. 

25.  The  fixing  ring  for  flush  type  sockets  shall  be  of  brass. 

Centres  of  Holes  for  Fixing  Screnfs  for  Flush  Type  Sockets. 

26.  In  the  5  ampere  and  15  ampere  flush  type  sockets  two 
holes  for  the  fixing  screws  shall  be  provided,  set  on  a  diameter  at 
right  angles  to  a  line  through  the  contact  tubes,  2  inches  (50*80  mm.) 
apart  centre  to  centre,  and  2*25  inches  (57'i5  mm.)  apart  centre  to 
centre  respectively.  In  the  30  ampere  socket  three  holes  shall  be 
provided,  equidistant  from  one  another,  set  on  a  circle  of  i"5  inches 
(38T0  mm.)  radius. 

Size  and  Shape  of  Holes  for  Fixing  Scre^ars. 

27.  The  fixing-down  holes  shall  be  suitable  for  No.  6  wood 
screws  with  countersunk  heads  in  the  5  ampere  and  15  ampere 
sockets,  and  for  No.  8  wood  screws  with  countersunk  heads  in  the 
30  ampere  sockets. 


Size  of  Socket 

Minimum 
Diameter  at  Front. 

Minimum 
Diameter  at  Back. 

Minimum 
Depth. 

Amperes. 

inch. 

mm. 

inch. 

mm. 

inch. 

mm. 

5 

■^.U 

4-8 

%a 

7-9 

\s 

3-2 

15 

u 

6-4 

••"s 

9-5 

Vi 

6-4 

30 

?48 

7-9 

1^ 

12-7 

% 

9-5 

10 


15 


20 


25 


30 


Size  and  Shape  of  Holes  in  Base  for  Hard  Wires. 

28.  The  diameters  of  the  holes  for  the  hard  wires  in  the 
insulating  bases,  and  the  depth  of  the  terminal  fittings  below  the  seat- 
ing surface  shall  conform  to  the  values  given  in  the  following  table  : —   35 


40 
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Separation  of  Metal  Parts  of  Opposite  Polarity. 

29.  The  base  shall  be  so  formed  that  the  insulating  material 
screens  all  metal  parts  of  opposite  polarity  from  each  other. 

Material  of  Contact  Tubes. 

30.  The  contact  tubes  shall  be  of  brass. 


Internal  Diameter  of  Contact  Tubes. 

31.  The  contact  tubes  shall  be  rounded  at  the  points  of  entry 
to  provide  easy  access  for  the  pins,  and  shall  have  the  internal 
diameters  given  below: — 


Size  of  Socket. 

Maximum 
Internal  Diameter. 

Minimum 
Internal  Diameter. 

Amperes. 

5 
15 
30 

inch. 

0-204 
0-282 
0-316 

mm. 

5-18 
7-*6 
8-03 

inch. 

0-202 
0-280 
0-314 

mm. 

5-13 
711 
7-98 

10 


Length  of  Contact  between  Plug  and  Socket.  15 

32.  The  contact  tubes  shall  engage  with  the  pins  for  a  length 
of  not  less  than  ^V  ii^^h  (7-9  mm.)  for  the  5  ampere  socket,  f  inch 
(9'5  mm.)  for  the  15  ampere  socket,  and  -J  inch  (i5"9  mm.)  for  the 
30  ampere  socket,  exclusive  of  the  rounded  ends  of  pins  and  con- 
tact tubes. 

Spacing  of  Contact  Tubes.  20 

33.  The  contact  tubes  shall  be  set  on  a  diameter  and  so 
mounted  as  to  take  a  "  Go  "  gauge  with  pins  o"20i  inch  (s'li  mm.) 
in  diameter,  set  at  a  distance  of  o'656  inch  (i6'66  mm.)  apart 
centre  to  centre  for  the  5  ampere  socket,  with  pins  0*279  i^ch  (7*09 
mm.)  in  diameter,  o'875  inch  (22'23  mm.)  apart  centre  to  centre  for  25 
the  15  ampere  socket,  and  with  pins  o"3i3  inch  (7"95  mm.)  in 
diameter,  i'25  inches  (3i'75  mm.)  apart  centre  to  centre  for  the  30 
ampere  socket.  The  spacing  shall  be  tested  by  means  of  the 
"Go"  gauge  shown  in  Figure  2  (page  11). 

Recess  for  Contact  Tubes.  30 

34.  The  contact  tubes  shall  be  recessed  in  the  insulating  base, 
or  a  cover  shall  be  fixed  so  that  it  is  impossible  to  touch  the  contact 
lubes  unintentionally.  The  holes  for  the  pins  through  the  insulating 
material  for  the  15  ampere  socket  shall  at  some  part  not  exceed 
0*350  inch  (8-9  mm.)  in  diameter,  and  for  the  30  ampere  socket  shall  35 
at  some  part  not  exceed  0*375  inch  (9*5  mm.)  in  diameter. 

Material  of  Terminals. 

35.  The  terminals  shall  be  of  brass. 
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Type  and  Size  of  Terminals. 

36  The  terminals  shall  be  of  the  Pillar  or  Through  type  in 
which  the  hard  wires  are  secured  under  the  ends  of  the  side  clamping 
screws ;  and  the  diameter  of  the  hole  in  each  terminal  and  the 
thickness  of  the  wall  where  the  clamping  screw  passes  through 
shall  conform  to  the  values  given  below: — 


Size  of  Socket. 

Minimum  Diameter  of  Hole. 

Minimum  Thickness  of  Wall. 

Amperes. 

inch. 

mm. 

- 
inch. 

mm. 

5 

0-140 

3-56 

0065 

1-65 

15 

0-172 

4-37 

0-125 

3-18 

30 

0-250 

G-35 

0-187 

4-75 

Material  of  Connecting  Plate. 

37.  When  a  plate  is  used  to  connect  the  contact  tube  to  the 
terminal  it  shall  be  of  brass. 

Method  of  Connecting  Contact  Tubes  to  Terminals. 

38.  When  a  connecting  plate  is  used  it  shall  be  not  less  than 
0*078  inch  (i"9S  mm.)  thick  for  the  5  ampere  socket  and  o'i25  inch 
(3' 1 8  mm.)  thick  for  the  15  ampere  socket  :  and  the  contact  tube  and 
terminal  shall  be  riveted  or  screwed  into  the  connecting  plate  or 
held  to  it  in  any  other  manner  not  less  secure.  If  the  contact  tube 
and  terminal  are  screwed  into  it  all  the  threads  of  the  plate  shall  be 
engaged.  In  the  30  ampere  socket  the  contact  tubes  shall  not  be 
connected  to  the  terminals  by  means  of  plates,  but  shall  be  either 
formed  in  one  piece  with  the  terminals  or  directly  and  firmly  .screwed 
into  them  to  a  depth  of  not  less  than  0*375  i'^ch  (9'53  mm.). 

Clamping  Screnrs  in  Terminals. 

39.  The  bra.ss  side  screws  for  clamping  the  wires  in  the 
terminals  shall  be  No.  5  B.A.  screw  thread  for  the  5  ampere  socket, 
No.  4  B.A.  screw  thread  for  the  15  ampere  socket,  and  No.  2  B.A. 
screw  thread  for  the  30  ampere  socket,  with  cheese  heads  in 
accordance  with  B.S.  Report  No.  57,  and  shall  be  of  sufificient 
length  under  the  heads  to  extend  to  the  far  side  of  the  wire  holes 
in  the  terminals.  The  ends  of  the  screws  shall  be  slightly  rounded 
to  prevent  cutting  the  wires. 

Material  and  Type  of  Cover. 

40.  The  terminal  parts  of  the  base  shall  be  protected  by  a 
cover  or  case  of  insulating  material  or  metal.  If  of  metal  the 
cover  shall  be  well  clear  of  the  live  parts  or  lined  with  insulating 
material. 

GENERAL. 
Marking  the  Current  Carrying  Capacity. 

M.  All  sockets  shall  be  indelibly  and  distinctly  marked  to 
indicate  that  they  are  intended  to  carry  5  amperes,  15  amperes  or 
30  amperes  respectively. 
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20 


25 


30 


35 


40 
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Gauges. 

42.  Shop  Gauges  employed  for  the  purposes  of  this  Specifica- 
tion shall  from  time  to  time  be  checked  against  reference  gauges 
{see  Appendix).  These  reference  gauges  shall  have  been  verified 
and  their  accuracy  certified  by  the  National  Physical  Laboratory.  5 

Independent  Tests. 

4!3.  In  the  event  of  any  difference  between  the  representative 
of  the  Purchaser  and  the  Manufacturer  as  to  whether  the  article 
supplied  is  in  conformity  with  all  the  requirements  of  this 
Specification,  either  party  shall  have  the  right  to  have  tests  carried  10 
out  by  an  independent  authority  to  be  mutually  agreed  upon  by  the 
parties,  or,  failing  such  agreement,  by  the  National  Physical 
Laboratory.  The  expenses  attendant  upon  such  independent 
testing  shall  be  borne  by  the  party  adjudged  to  be  in  the  wrong. 
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GAUGES    FOR    PLUGS    AND    SOCKETS. 

(The  Figures  are  not  intended  to  show  the  details  of  construction.) 


I 


FIG.   1.—    GO"   GAUGE    FOR   PLUG. 


Fig.  2.-"  GO"   GAUGE    FOR   SOCKET. 


TABLE   OF  DIMENSIONS. 


Gauge 
Nos. 

Size. 

A 

B 

C 

D                           E 

F 

Am- 
peres. 

Toler- 
ance. 

Toler- 
ance. 

Toler-    1 
ance.    , 

Toler- 
ance. 

1  and  2 
3    „    4 
5    „    6 

5 
15 
30 

in. 

0-202 
0-280 
0-314 

in. 
+  00003 
-0-0000 
+  0-0003 

-  0-0000 
+  0-0003 

-  0-0000 

in. 

0-656 
0-875 
1-250 

in. 
±0-0005 
±0-0005 
±0  0005 

in, 

% 

IVs 

in. 
0-656 
0-875 
1-250 

in.           in.    [        in. 

-0-0000 

+  00005^  ^'^■^; -0-0002 

f,.p„q  -.0-0000 

+  0-0005 ^'^'^  -00002 

J +  0-0000 

+  00005^  "^-^"^  -0-0002 

in. 
IVs 
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APPENDIX. 


STANDARD    GAUGES. 


A  Standard  Gauge  is  a  male  or  female  gauge,  having  plain 
cylindrical  surfaces,  suitable  for  depositing  with  the  National 
Physical  Laboratory  for  purposes  of  reference. 

REFERENCE    GAUGES. 

A  Reference  Gauge  is  a  male  or  female  gauge,  having  plain 
cylindrical  surfaces,  and  is  intended  for  use  by  manufacturers  and 
others  for  checking  their  own  shop  gauges.  The  reference  gauges 
shall  be  verified  and  their  accuracy  certified  by  the  National 
Physical  Laboratory, 

SHOP    GAUGES. 

A  Shop  Gauge  is  a  gauge  actually  used  in  the  shop  for  testing 
the  dimensions  oi  the  article  referred  to  in  this  Specification  and 
checked  from  time  to  time  against  the  reference  gauges. 
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OF 

BRITISH    STANDARD    SPECIFICATIONS    AND    REPORTS. 
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]SjOTK. — A  number  of  the  Publications  of  the  Association  are  being  issued  in  French, 
Italian,  Spanish  and  Portuguese.  The  jnajority  of  the  English  Editions  and  all  the 
Forei'^ti  Translations  (which  also  include  the  English  text)  are  being  published  in  octavo  form, 
and  will  be  available  at  V-  net  per  copy  or  its  equivalent  in  Foreion  moneys. 
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1-1914.  Rolled  Sections  for  Struc- 
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plates, Specification  and  Sections  of     1/-      1/3 

3-1903.  Influence  of  Gauge  Length 
and  Section  of  Test  Bar  on  the 
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on,  by  Professor  W.  C.  Unwin, 
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6-1904.  Rolled  Sections  for  Struc- 
tural Purposes,  Properties  of   Under  Revision 
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lated Annealed,  for  Electric 
Power  and  Light,  Dimensions  of...       1/-       1/2 

8-1904.  Tramway  Poles,  Specifica- 
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9-1909.  Railway  Rails,  Specification 

and  Sections  of  Bull  Head 1/- 

10-1904.  Pipe  Flanges,  Tables  of    ...     1/- 

11-1909.  Railway  Rails,  Specification 

and  Sections  of  Flat  Bottom  ...       1/- 

12-1915.  Portland  Cement,  Specifi- 
cation for 1/" 

13-1910.    Steel    for    Shipbuilding, 

Specification   for   Structural 1/- 

14-1907.  Steel  for  Marine  Boilers, 

Specification  for  Structural     I/- 

15-1912.  Steel  for  Bridges,  etc.,  and 
General   Building  Construction, 

Specification  for  Structural    1/- 

18-1910.  Tensile  Test  Pieces,  Forms 

of Gratis 

21-1909.  Pipe  Threads  for   Iron  or 

Steel  Pipes  and  Tubes,  Report  on  ...       1/- 

23-1905.  Trolley  Groove  and  Wire, 

Standards  for       1/" 

24-1911.  Railway     Rolling    Stock, 

Specifications    for     Material     used 

in  the  Construction  of — 

Part  I.     Locomotive,  Carriage  and 

Wagon  Axles         1/- 

„    II.    Locomotive,  Carriage  and 

Wagon  Tyres         1/- 
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Helical  Springs  and   Steel 
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,,    IV.    Steel  Forgings,  Bloomsand 

Castings       1/- 
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trical Wiring,  Specification  for  ... 
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malic  Machines,  Specification  for 

35-1907.  Copper  Alloy  Bars  for  use  in 
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40-1908.  Cast  Iron  Low  Pressure 
Heating  Pipes,  Specification  for 
Spigot  and  Socket 

41-1908.  Cast  Iron  Flue  or  Smoke 
Pipes,  Specification  for  Spigot  and 
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42-1909.  Steam  Engines  for  Elec- 
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43-1909.  Boiler  Tubes,  Specification 
for  Charcoal  Iron  Lap- welded 

44-1909.  Cast  Iron  Pipes  for  Hy- 
draulic Power,  Specification  for  ... 

45- 1917.  Sparking  Plugs  (for  Internal 
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46-1909.  Keys  and  Keyways,  Speci- 
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50-1910.  Locomotives  for  Indian 
Railways,  Third  Report  on  (Super- 
seding Nos.  5  and  26)   ...         ...       Under  Revision 

51-1913.  Wrought  Iron    for    use   in 

Railway  Rolling  Stock  ('' Best- York- 
shire" and  Grades  A,  B  and  C), 
Specification  for  ...         1/-       1/2 

53-1913.  Boiler  Tubes  for  Locomotive 
Boilers,  Specification  for  Cold  Drawn 
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54-1911.  Screw  Threads,  Nuts  and 
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fication for  Spigot  and  Socket 

59-1912.  Cast  Iron  Waste  and  Ven- 
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Screw  Threads  (primarily  for 
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cation for 

62-1913.     Marine      Boiler      Stays, 

Screwing  for 

63-1913.  Broken    Stone  and  Chip- 

pings,  Specification  for  Sizes  of     ... 
64-1913.  FishlDolts     and     Nuts    for 

Railway  Rails,  Specification  for 
65-1914.  Salt-Glazed  Ware  Pipes, 

Specification  for... 

66-1914.  Copper-Alloy  Three-Piece 
Unions  (for  Low  and  Medium 
Pressure  Screwed  Copper  Tubes), 
Specification  for ...         

67-1914.  Ceiling  Roses,  Specification 
for  Two-  and  Three-Plate 

68-1914.  Steel  Conductor  Rails, 
Method  of  Specifying  the  Resist- 
ance of 

69-1915.  Tungsten  Filament  Glow 
Lamps  (Vacuum  Type)  for  Auto- 
mobiles,  Report  on      

70-1915.  Pneumatic  Tyre  Rims  for 
Automobiles,  Motor  Cycles  and 
Cj'cles,  Report  on 

71-1917.  Wheel  Rims  and  Tyre 
Bands  for  Solid  Rubber  Tyres 
for  Automobiles,  Report  on  Dimen- 
sions of    ... 

72-1917.  Electrical  Machinery, 
British  Standardisation  Rules  for 

73-1919.  Two-Pin  Wall  Plugs  and 
Sockets  (Five-,  Fifteen-  and  Thirty- 
.\mpere)  .Specification  for 

74-1917.  ChargingPlugand  Socket, 

for    Vehicles    Propelled   by    Electric 
Secondary  Batteries,  Specification  for 

75-1916.  Steels  for  Automobiles, 
Specification  for  Wrought     
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Purposes,  Report  on  NomenclatUPQ 
of  and  Specifications  for  Tar  and 
Pitch  for  Road  Purposes     

78-1917.  Cast  Iron  Pipes  and  Special 
Castings  for  Water,  Gas  and 
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80-1917.  Magnetos  for  Automobile 
Purposes,  Report  on  Dimensions  of 

81-1919.  Instrument  Trans- 
formers, Specification  for   ... 

82-1919.    Starters     for     Electric 

Motors,  Specification  for     

83-April,  1918,  Dope  and  Protective 
Covering  for  Aircraft,  Standard  of 
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84-1918.  Screw  Threads  (British 
Standard  Fine),  and  their  Toler- 
ances (Superseding  parts  of  Reports 
Xos.  20  and  33), Report  on 

86-1919.  Magnetos  for  Aircraft 
Purposes,  Report  on  Dimensions  of 

87-1919.  Airscrew  Hubs,  Report  on 
Dimensions  for  ...         

88-1919.  Electric  Cut-Outs  (Low 
Pressure,  Type  O),  Specification  for 

89-1919.  Indicating  Ammeters, 
Voltmeters,  Wattmeters.  Fre- 
quency and  Power-Factor 
Meters,    Specification    for  ... 
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Ammeters,  Voltmeters  and 
Wattmeters,    Specification    for  ... 

95-1919.    Corrections  to  Effective 

Diameter  required  to  compensate 
Pitch  and  Angle  Errors  in  ScreW 
Threads  of  Whitworth  Form, 

Tables  of 

98—1919.    Goliath  Lamp  Caps  and 

Lamp  Holders,  Specification  for  ... 

103-1919.  Falling  Weight  Testing 
Machines  for  Rails,  Specification 
for 

104-1919.  Light  Flat  Bottom  Rail- 
way Rails  and  Fishplates, 
Sections  of 

105-1919.  Light  and  Heavy  Bridge 
Type  Railway  Rails,  Sections  of... 
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net Steel,  Standard  for 
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